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NOTES 


1) RAMO EQUIPMENT POC*fc PROVCC 4' fUI BUCK V»ttt COVE BASE CLUED TO WALLS ALL AROUND. PATCH AM) REPAS EXSTWC 

EPOXY PAINT ON ROC* AS NECESSARY, BATTERY ROOM AND UPS AREA; PATCH AND REPAR EXISTING EPOXY PA^YT ON FLOOR 
AS KCESSARY. 

2) PROVIOf. A U*. OF <2) flWSH COATS SO*- GLOSS ENAMEL FOR THE ENTIRE ROOM WALLS OF RADO EQUIPMENT, BATTERr 
ROOM, COUNC Of BATTERY ROOM AND UPS AREA ALL NEW WALLS AND CElUNC SHALL ALSO HAVE A LATEX PRsU£R COAT, 

3) RADO EQU»PM£NT ROOM WAU. SHALL BE TWO 5/8" TYPE X CYPSUM WALLBOARO ON BOTH S>OCS Of 3 5/8* METAL STUOS 25 
CACE AT 16* ON CENTER WITH 3 1/2* TksCX R-11 nSERCUSS INSULATION CONSTRUCTED fROM flOOR TO SUB. 


GYPSUM 0OARO ON BOTH SCCS Of JOrSTS ASO S 1/4" R-19 FffiERCUSS KSUU*KW. 

5} PROVIDE METAL FRAME FOR DOUBLE DOORS, 1 1/2 HOUR UL RATED, M3MMUM IS CAGE STta FRAME AM) DOOR MINIMUM 16 
GAGE, t 3/4" HOLLOW METAL DOORS, » 1/2 HOUR UL RATEO IN LOCATIONS SHOWN ON PLAN. DOOR LOCKSET TO BE 
CORSN-RUSSW1N ' ML2257LWA625 LOCK WITHOUT CYLINDER. CYLeOCRS PROVIDED AKO INSTALLED BY OTHERS. 
BUTTS: STANLEY WORXS FBBlTS. 

6) PROVIDE 7* HKH WsRE PAfiTmONS ANO 3' W-OC DOOR WITH TWO PADLOCK "STAPLES* AT 21" AM) 63" AFF. PADLOCKS BY OTHERS, 
ACORN W$R£ ANO IRON WORKS TYPE NO- 130* OR APPROVED EOUAt_ LOCK TO BE KEYED SAME AS DOORS (NOTE S ABOVE). 

7) IT S A VXXATX3N Of LAW FOR ANY PERSON, UttXSS HE IS ACTiNC UNDER IKE DIRECTION Of A UCENSEO PROFESSKWAt, 

ENGINEER. TO ALTER AN ITEM ON THS COOiuEnT « ASY WAY. V AN ITEM 6EARWG THE SEAL Of AN OSKNEER IS ALTEREO, THE 
ALTERING ENGINEER SHAU. AFFIX HJS SEAL ASO THE NOTATION "ALTERED BY" FOLLOWED BY WS SIGNATURE ANO THE DATE Of 
SUCH ALTERATION. AM) A SPEOFSC DESCRSTION Of THE ALTERATION. 


DOOR SCHEDULE 


DOOR 
NO. 


ao: 


802 


803 


OPENING SIZE 


2(3*-0" x r~o") 


2(2*-6" x r-0*> 


3'-o* x r-o* 


UAT*L 


LVR/ U.C 


MAtt. JUM8 


STL 


HEAD 


SAD0LE 


UL LABEL 


MOWR SET 


NOTE 5 


NOTE 5 


NOTE 6 


REMARKS 


SEE NOTE 5 ASO DOOR OETAX ON TWS DRAWSNS 


SEE NOTE S AND DOOR DETAIL ON THIS ORAWNC 


SEE NOTE 6 


«— EXISTWC SLAB ABOVE 
25 GAGE TOP RUNNER 


— TWO LAYERS 5/8" TYPE X 

GYPSUM 80ARO ON BOTH SIDES. 


« 1/8* 


COL. NO.- 
(TYP.) 



JT 


•25*-8 3/4*- 


70" X 43" DUCT 


-3" CMMCTER ORAM 
•PIPE, ir-2* AFT 


rx 7* 

00C8LE DOORS 

SEE NOTE 5 





FWDK) EOUtPWENT ROOM 


r TWO LAYERS Of 5/8* GYPSUM 
SOUtO TYPE X ON BOTH 90CS 
Of 3 3/8" 25 CAGE METAL 
STUOS. IS' O.C, SEE NOTE 3. 
ALSO SEE STRUCTURAL DRAttNCS 
FOR FRUCNC AROUW E»STB« 
DUCTWORK. 


IP" 


3 " 


V 


« v**4 V^pH 


10"- 


BATT£KY PQQ M 


•TWO UYERS Of 3/0" ~ 
CYPSUM WARD TYPE X 
OH BOTH sees Of 
3 5/8*. 18 CACE METAL 
STUDS. 16* OX, 
SEE NOTE «. 


r *"-«" x r 

I DOUBLE DOORS 
\SCE NOTE 3 


EST 


>■ 


CROUNt >g PLATE. SEE 
DRAW** :-808 FOR 


11 5/16* 


8"-tt* 


U^ S AR£ A 


r- SECURE TO FLOOR 


7' H&* not MESH-J 
PARTOOK. SEE NOTE 6 


■SECURE TO FLOOR 
rwiTH WALL BRACKETS 


I— SECURE 1 



2 HOUR FIRE RATED SEALANT (TYP) 


3/4* FWE-RETAROANT PLYWOOD 

PERttfi-TER CHANNa 

.—6 1/4* F18ERCLASS 
INSULATION <R-19) 

-6*X 2* *J* 

JOiSTS 18 
CAGE, 16'O.C. 



TRACK ATTACHEO TO SUB 


3 5/8* METAL STUOS 
25 CAGE 16* ON CENTER 

3 1/2* R-11 FIBERGLASS JNSUUTION 

4* COVE BASE 
VINYL TILE 


TWO LAYERS 5/6* TYPE X 
GYPSUM BOARD ON BOTH SIDES. 

8 CACE TOP RUNNER 

-TWO UYERS 5/8* TYPE X 
CYPSUM BOARD ON BOTH S»£S. 

& r— 3 5/8" "C* STUOS. UWUNCHED, 
"=2 18 CACE IS* ON CENTER 

3 1/2* R-1J F!B£PC\ASS WSUUTION 

6 1/8* 

EPOXY PAINT FLOOR 


EXISTINC aOOR 
2 HOUR FIRE RATED SEALANT 
18 CAGE BOTTOM RUNNER 



V—EXBTINO aOOR 
2 HOUR FIRE RATED SEALANT (TYP) 
18 CAGE BOTTOM RUNNER 


TYPICAL RADIO EQUIPMENT ROOM WALL TYPICAL BATTERY ROOM WALL 


RADIO EQUIPMENT ROOM 
SUB HOCHT - 16*- 6" 



/-(2) UYERS TYPE X 
/ CYPSUU BOARD 


BATTERY ROOM 
JOST HPCHT - 8'- 1 1/4' 


SECTION 


6" X 2* "J" JOIST 
A — 'A (HOT TO SCALE) 


TYPICAL 2-HOUR FIRE RATED WALLS 


18 CA. BCARNG- 
PtATE (TYP.) 


RAOK) EQUIPMENT ROOM 


^ 



r*- 


PARTIAL FLOOR PLAN 


SCALE IN FEET 


A, 




8*X 1 J/2" DOUBLE 
C-JOST. 16CA HEADER \ 


18CA. BENT V PLATE - 

3* WIDE WITH 2-#10 

SCREWS TO HEADER 4 

2-|10 SCREWS TO 

JAMB. 

>~D0U8LE JAMB C-STUOS 
3 5/8* 18 CAGE 


6" WIDE DOOR FRAMING DETAIL 


6 1/8* 


3 1/2* R-11 FIBERCUSS 
INSUUJKW 



2) UYERS 5/8" CYPSUM BOARD TYPE X 
W BOTH S©€S Of 3 3/8* METAL STUOS 
18 CA. FOR BATTERY ROOM ANO 25 CA. 
OR RAOK) EQUIPMENT ROOM) 16* O.C 

METAL FRAME, 1 1/2 HOUR UL, 
16 CACE: STEEL FRAME 


METAL 1 3/4* DOCS. 1 1/2 HOUR UL 
15 CAGE 



PERIMETER 
CHANNa 


J 


SEALANT 


ML AL FRAME 


METAL DOOR 


METAL DOOR 


VINYL WfATHER 
STPJPPWO . 


.EXrSTWC aOOR 


DOOR DETAIL 


Ua 


6* X 2* V JOST 18 CA, 16* OXX AT ELEYATOH - 8'- 1 1/4* 


■L 


BATTERY ROOM CEILING JOIST LAYOUT 

•• . ' SCAtC IN FEET 


Sh^ &\ Of (10 



nsmirjifiniMNiY 

(IXlK3L7@KtO 



N.Y. PJL (OR RA 


Rani Communications 
Consultants, Inc. 

10 Wm*4!o* Cvttt Orf« 

Woo*«Ma«, M> 07095 

(908) 636-6970 fox (908) 636-7260 


IK Ji£WCS*r^TWTT>K)SATRu^AWCCflRSCli 
« >Y OF ONE OF THE CONTRACT DfiAWNJS COM- * 
SiruTW3APArfrOFCC*JTRACTNO.p^^-*f 5 4^^ ft. 
ti TfC FORM W y>KCH SAD DRAWNGS DOStMaT * 
Tt ; TIME THE SHD CONTRACT WAS EXECUTED BY 
1} =PARTES. 


w«liyfig 


w wfe/y ^V^' 



No. Dot* Revijinn t«pnn*4 

\ 


The 


Wcrld 


Tia^^ 


Cia 


£] 


STANDBY POWER 
5 WORLD TRADE CENTER 

COMMUNICATIONS 


CONSTRUCTION PtAN,^ 
WAU SECTIONS, i 
DOOR DETAILS AND NOTES 


TK» ire** wfejtel to c«n«**Ien» In eenbvct 
A* IMnnCoo*. ld«e*. de*fl*» antf raeDio* 
h«r»Sn or« tt**r**4 to Port AuOwUy *«nd 
BWY net b* UM4 «V«ut ft* mMm MhmC 


sc 


R.M, 


S.Cv< 


0^flB»< toy OM*n bf Cfetctwd by^ 


Dote . 

CoftUwrt Nwrnt**- 

WTC-945.071 


sc&- 13: mat I 

Dwttaf Worab4f. 
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